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Honorable  Brendan  T.  Byrne 
Governor  of  New  Jersey 
Trenton,  New  Jersey  08621 


Dear  Governor  Byrne : 


APPROVED  FOR  PUBLIC  RELEASE 
DISTRIBUTION  UNLIMITED. 


Inclosed  is  the  I  base  1  Inspection  Report  for  Lake  Plymouth  Dam  in  Sussex 
County,  New  Jersey  which  has  been  prepared  under  authorization  of  the  Dam 
Inspection  Act,  Public  Law  92-367.  A  brief  assessment  of  the  dam's 
condition  is  given  in  the  front  of  the  report. 


Based  on  visual  inspection,  available  records,  calculations  and  past 
operational  performance,  Lake  Plymouth  Dam,  initially  listed  as  a  high 
hazard  potential  structure,  but  reduced  to  a  significant  hazard  potential 
structure  as  a  result  of  this  ’nspection,  is  judged  to  be  in  fair  overall 
condition.  The  dam's  spillway  is  considered  inadequate  because  a  flow 
equivalent  to  36  percent  of  the  One  Hundred  Year  Flood  would  cause  the  dam 
to  be  overtopped.  To  ensure  adequacy  of  the.  structure,  the  following 
actions,  as  a  minimum,  are  recommended: 


a.  The  spillway's  adequacy  should  be  determined  by  a  qualified 
professional  consultant  engaged  by  the  owner  using  more  sophisticated 
methods,  procedures,  and  studies  within  six  months  from  the  date  of  approval 
of  this  report.  Within  three  months  of  the  consultant’s  findings  remedial 
measures  to  ensure  spillway  adequacy  should  be  initiated. 


b.  Within  six  months  from  the  date  of  approval  of  this  report  the 
following  remedial  actions  should  be  initiated: 

Cl)  The  upstream  face  and  crest  of  the  dam  should  be  properly 
protected  against  erosion. 

(2)  The  spiLLway  should  be  thoroughly  renovated  to  provide  adequate 
slope  protection  for  the  embankment. 


(3)  /LI  liees  and  adverse  vegetation  on  the  embankment  should  be 
removed . 
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Honorable  Brendan  T.  Byrne 


c.  The  following  remedial  actions  should  be  initiated  within  one  year 
from  the  date  of  approval  of  this  report: 

(1)  The  ability  to  drain  the  lake  should  be  investigated  in  the 
future  by  a  professional  engineer  experienced  in  the  design  and  construction 
of  dams.  If  the  need  for  a  low  level  outlet  is  determined,  a  suitable 
outlet  should  be  designed  and  installed. 

(2)  The  owner  should  develop  written  operating  procedures  and  a 
periodic  maintenance  plan  to  ensure  the  safety  of  the  dam. 

d.  An  emergency  action  plan  and  warning  system  should  be  developed 
which  outlines  actions  to  be  taken  by  the  owner  to  minimize  the  downstream 
effects  of  an  emergency  at  the  dam  within  six  months  from  the  date  of 
approval  of  this  report. 

A  copy  of  the  report  is  being  furnished  to  Mr.  Dirk  C.  Hofman,  New  Jersey 
Department  of  Environmental  Protection,  the  designated  State  Office  contact 
for  this  program.  Within  five  days  of  the  dcte  of  this  letter,  a  copy  will 
also  be  sent  to  Congressman  Courter  of  the  Thirteenth  District.  Under  the 
provision  of  the  Freedom  of  Information  Act,  the  inspection  report  will  be 
subject  to  release  by  this  office,  upon  request,  five  days  after  the  date  of 
this  letter. 

Additional  copies  of  this  report  may  be  obtained  from  the  National  Technical 
Information  Services  (NTIS) ,  Springfield,  Virginia  22161  at  a  reasonable 
cost.  Please  allow  four  to  six  weeks  from  the  date  of  this  letter  for  NTIS 
to  have  copies  of  the  report  available. 

An  important  aspect  of  the  Dam  Inspection  Program  will  be  the  implementation 
of  the  recommendations  made  as  a  result  of  the  inspection.  We  accordingly 
request  that  we  be  advised  of  proposed  actions  taken  by  the  State  to 
implement  our  recommendations. 

Sincere ly , 

JAMES  G.  TON" 

Colonel,  Corps  of  Engineers  - 

Commander  and  District  Engineer*5^00  ^or 

Copies  furnished: 

Mr.  Dirk  C.  Hofman,  P.E. ,  Deputy  Director 
Division  of  Water  Resources 
N.J.  Dept,  of  Environmental  Protection 
P.0.  Box  CN029 
Trenton,  NJ  08025 


Mr.  John  o' Dowd,  Acting  Chief 
Bureau  of  Flood  Plain  Regulation 
Division  of  Water  Resources 
N.J.  Dept,  of  Environmental  Protection 
P.O.  box  CN029 
Trenton,  NJ  08625 
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LAKE  PLYMOUTH  DAM  fNJUUbltt) 

CORPS  OF  ENGINEERS  ASSESSMENT  OF  GENERAL  CONPmONS 

This  data  was  inspected  on  30  December  i960  by  Storch  Engineers,  under 

contract  to  the  State  of  New  Jersey.  The  State,  under  agreement  with  the 
U.S.  Army  Engineer  District,  Philadelphia,  had  this  inspection  performed  in 
accordance  with  the  National  Dam  Inspection  Act,  Public  Law  92-367. 

Lake  Plymouth  Dam,  initially  listed  as  a  high  hazard  potential  structure, 
but  reduced  to  a  significant  hazard  potential  structure  as  a  result  ot  this 
inspection,  is  judged  to  be  in  fair  overall  condition.  The  dam's  spillway 
is  considered  inadequate  because  a  flow  equivalent  to  3o  percent  of  the  One 
Hundred  Year  Flood  would  cause  the  dam  to  be  overtoppeo.  To  ensure  adequacy 
of  the  structure,  the  following  actions,  as  a  minimum,  are  recommended: 

a.  The  spillway's  adequacy  should  be  determined  by  a  qualitied 

professional  consultant  engaged  by  the  owner  using  more  sophisticated 
methods,  procedures,  and  studies  within  six  months  from  the  date  of  approval 
of  this  report.  Within  three  months  oi  the  consultant's  lindings  remedial 

measures  to  ensure  spillway  adequacy  should  be  initiated. 

b.  Within  six  months  from  the  date  ol  approva.  ut  this  report  the 
following  remedial  actions  should  be  initiated: 

(1)  The  upstream  face  and  crest  ot  the  nan.  should  be  properly 
protected  against  erosion. 

(2)  The  spillway  should  be  thoroughly  renovated  to  provide  adequate 
slope  protection  for  the  embankment . 

(3)  All  trees  and  adverse  vegetation  on  the  embankment  should  be 
removed. 

(A)  Seepage  at  the  dam  should  be  periodical ly  monitored  by  an 

engineer  experienced  in  the  design  and  construction  of  dams  in  order  to 
assess  any  changes  in  its  condition  and  its  effects  on  the  structural 
stability  of  the  dam. 

c.  The  following  remedial  actions  shoula  be  initiated  within  one  year 
from  the  date  of  approval  of  this  report: 

(1)  The  ability  to  drain  the  lake  should  be  investigated  in  the 
future  by  a  professional  engineer  experienced  in  the  design  and  construction 
of  dams.  If  the  need  for  a  low  level  outlet  is  determined,  a  suitable 
outlet  should  be  designed  and  installed. 

(2)  The  owner  should  develop  written  operating  procedures  and  a 
periodic  maintenance  plan  to  ensure  the  safety  of  the  dam. 


d.  An  emergency  action  plan  ana  warning  system  should  be  developed 
which  outlines  actions  to  be  taken  by  the  owner  to  minimize  the  downstream 
effects  of  an  emergency  at  the  dam  within  six  months  from  the  date  of 
approval  of  this  report. 


APPROVED: 

Colonel,  Corps  ot  Engineers 
Commander  and  Disti  .et  Engineer 


PHASE  I  REPORT 
NATIONAL  DAM  SAFETY  PROGRAM 


Name  of  Dam: 

State  Located: 
County  Located: 
Drainage  Basin: 
Stream: 

Date  of  Inspection: 


Lake  Plymouth  D am,  NJ00818 

New  Jersey 

Sussex 

Delaware  River 
Trout  Brook 
December  30,  1980 


Assessment  of  General  Condition  of  Dam 


Based  on  visual  inspection,  past  operational  performance  and  Phase  I 
engineering  analyses,  the  dam  is  assessed  as  being  in  fair  overall 
condi tion. 

Based  on  investigations  of  the  downstream  flood  plain  made  in  connection 
with  this  report,  it  is  recommended  that  the  hazard  potential  classifi¬ 
cation  be  downgraded  from  high  to  significant  hazard. 

Hydraulic  and  hydrologic  analyses  indicate  that  the  spillway  is  inadequate. 
Discharge  capacity  of  the  spillway  is  not  sufficient  to  pass  the  designated 
spillway  design  flood  (100-year  storm)  without  an  overtopping  of  the 
dam.  The  spillway  is  capable  of  passing  approximately  35  percent  of  the 
spillway  design  flood.  Therefore,  the  owner  should  engage  a  professional 
engineer  experienced  in  the  design  and  construction  of  dams  in  the  near 
future  to  perform  more  accurate  hydraulic  and  hydrologic  analyses  relating  to 
spillway  capacity.  Based  on  the  findings  of  the  analyses,  the  need  for 
and  type  of  remedial  measures  should  be  determined  and  then  implemented. 

The  owner  should,  in  the  near  future,  develop  an  emergency  action  plan 
together  with  an  effective  warning  system  outlining  actions  to  be  taken 
by  the  operator  to  minimize  downstream  effects  of  an  emergency  at  the 
dam. 


i 
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Seepage  at  the  dam  should  be  periodically  monitored  by  an  engineer 
experienced  in  the  design  and  construction  of  dams  in  order  to  assess 
any  changes  in  its  condition  and  its  effects  on  the  structural  stability 
of  the  dam. 

It  is  further  recommended  that  the  following  remedial  measures  be  under¬ 
taken  by  the  owner  in  the  near  future. 

1)  The  upstream  face  and  crest  of  the  dam  should  be  properly 
protected  against  erosion. 

2)  The  spillway  should  be  thoroughly  renovated  to  provide  adequate 
slope  protection  for  the  embankment. 

3)  All  trees  and  adverse  vegetation  on  the  embankment  should  be 
removed. 

The  ability  to  drain  the  lake  should  be  investigated  in  the  future  by  a 
professional  engineer  experienced  in  the  design  and  construction  of 
dams.  If  the  need  for  a  low  level  outlet  is  determined,  a  suitable 
outlet  should  be  designed  and  installed. 

In  the  future,  the  owner  of  the  dam  should  develop  written  operating 
procedures  and  a  periodic  maintenance  plan  to  ensure  the  safety  of  the 
dam. 
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PREFACE 


This  report  is  prepared  under  guidance  contained  in  the  Recommended 
Guidelines  for  Safety  Inspection  of  Dams,  for  Phase  I  Investigations. 

Copies  of  these  guidelines  may  be  obtained  from  the  Office  of  Chief  of 
Engineers,  Washington,  D.C.  20314.  The  purpose  of  a  Phase  I  Investigation 
is  to  identify  expeditiously  those  dams  which  may  pose  hazards  to  human 
life  or  property.  The  assessment  of  the  general  condition  of  the  dam  is 
based  upon  available  data  and  visual  inspections.  Detailed  investigation, 
and  analyses  involving  topographic  mapping,  subsurface  investigations, 
testing,  and  detailed  computational  evaluations  are  beyond  the  scope  of 
a  Phase  I  investigation;  however,  the  investigation  is  intended  to 
identify  any  need  for  such  studies. 

In  reviewing  this  report,  it  should  be  realized  that  the  reported  condition 
of  the  dam  is  based  on  observations  of  field  conditions  at  the  time  of 
inspection  along  with  data  available  to  the  inspection  team.  It  is 
important  to  note  that  the  condition  of  dam  depends  on  numerous  and 
constantly  changing  internal  and  external  conditions,  and  is  evolutionary 
in  nature.  It  would  be  incorrect  to  assume  that  the  present  condition 
of  the  dam  will  continue  to  represent  the  condition  of  the  dam  at  some 
point  in  the  future.  Only  through  continued  care  and  inspection  can 
there  be  any  chance  that  the  unsafe  conditions  be  detected. 

Phase  I  inspections  are  not  intended  to  provide  detailed  hydraulic  and 
hydrologic  analyses.  In  accordance  with  the  established  Guidelines,  the 
Spillway  Test  flood  is  based  on  the  estimated  "Probable  Maximum  Flood" 
for  the  region  (greatest  reasonably  possible  storm  runoff),  or  fractions 
thereof.  The  test  flood  provides  a  measure  of  relative  spillway  capacity 
and  serves  as  an  aid  in  determining  the  need  for  more  detailed  hydraulic 
and  hydrologic  studies,  considering  the  size  of  the  dam,  its  general 
condition  and  the  downstrean  damage  potential. 


PHASE  I  INSPECTION  REPORT 
NATIONAL  DAM  SAFETY  PROGRAM 


LAKE  PLYMOUTH  DAM,  I.D.  NJ00818 


SECTION  1:  PROJECT  INFORMATION 


1.1  General 


a.  Authority 


Public  Law  92-367,  August  8,  1972,  authorized  the  Secretary  of 
the  Army,  through  the  Corps  of  Engineers,  to  initiate  a  National 
Program  of  Dam  Inspection  throughout  the  United  States.  The 
Division  of  Water  Resources  of  the  New  Jersey  Department  of 
Environmental  Protection  (NJDEP)  in  cooperation  with  the 
Philadelphia  District  of  the  Corps  of  Engineers  has  been 
assigned  the  responsibility  of  supervising  the  inspection  of 
dams  within  the  State  of  New  Jersey.  Storch  Engineers  has 
been  retained  by  the  NJDEP  to  inspect  and  report  on  a  selected 
group  of  these  dams.  The  NJDEP  is  under  agreement  with  the 
Philadelphia  District  of  the  Corps  of  Engineers. 


b.  Purpose  of  Inspection 


The  visual 
1980.  The 
assessment 
of  the  dam 


inspection  of  Lake  Plymouth  Dam  was  made  on  December  30, 
purpose  of  the  inspection  was  to  make  a  general 
of  the  structural  integrity  and  operational  adequacy 
structure  and  its  appurtenances. 
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1.2  Description  of  Project 

a.  Description  of  Dan  and  Appurtenances 

The  facilities  at  Lake  Plymouth  Dam  consist  of  an  earthfill 
embankment  with  an  uncontrolled  spillway  near  its  center 
consisting  of  a  trapezoidal  shaped  depression  in  the  crest. 

No  outlet  works  were  observed  at  the  time  of  inspection. 

The  embankment  is  approximately  495  feet  long  and  extends 
approximately  west  to  east.  The  embankment  crest  is  about 
10  feet  wide  and  the  downstream  slope  is  3  horizontal  to  1 
vertical  while  the  upstream  face  of  the  embankment  has  a  slope 
of  1  horizontal  to  1  vertical  above  the  water  line. 

The  principal  spillway  consists  of  a  two-stage  depression  in 
the  crest  of  the  embankment  lined  with  grouted  riprap.  The 
primary  and  secondary  crests  of  the  spillway  have  lengths  of 
14.0  feet  and  25.0  feet  respecti vely.  The  secondary  spillway 
crest  elevation  is  998.8,  National  Geodetic  Vertical  Datum 
(N.G.V.D.),  while  the  elevation  of  the  primary  spillway  crest 
is  998.0,  about  2.7  feet  below  the  embankment  crest. 

Depressions  in  the  soil  are  located  adjacent  to  the  right  and 
left  ends  of  the  embankment.  The  depressions  consist  of 
grassy  irregularly  shaped  low  areas  and  serve  as  emergency 
spillways.  The  crests  consist  of  a  level  section  40  feet  long 
for  the  west  end  and  10  feet  long  for  the  east  end,  both  at 
elevation  1000.2. 

b.  Location 

Lake  Plymouth  Dam  is  located  in  the  Township  of  Stillwater, 
Sussex  County,  New  Jersey.  Principal  access  to  the  dam  is  by 
Ov/assa  Road.  The  dam  is  located  approximately  6  miles  southwest 
of  N.J.  Route  206.  Discharge  from  the  spillway  of  the  dam 
flows  into  Trout  Brook. 


2 


Size  and  Hazard  Classification 

The  dam  is  classified  in  accordance  with  criteria  presented  in 
"Recommended  Guidelines  for  Safety  Inspection  of  Dams"  published 
by  the  U.S.  Army  Corps  of  Engineers.  Size  categories  consist 
of  Small,  Intermediate  and  Large  while  hazard  categories  are 
designated  as  Low,  Significant  and  High. 

Size  Classification:  Lake  Plymouth  Dam  is  classified  as 
"Small"  size  since  its  maximum  storage  volume  is  216  acre-feet 
(which  is  less  than  1000  acre-feet)  and  its  height  is  13.6 
feet  (which  is  less  than  40  feet). 

Hazard  Classification:  Visual  inspection  of  the  downstream 
flood  plain  of  the  dam  together  with  breach  analysis  indicate 
that  failure  of  the  dam  due  to  overtopping  could  cause  appre¬ 
ciable  property  damage  to  the  barns  and  grounds  located  20C 
feet  downstream  from  the  dam.  It  is  not  anticipated  that  dam 
failure  during  a  storm  equivalent  to  the  SDF  would  cause 
inundation  of  the  dwelling  located  approximately  850  feet  from 
the  dam.  Accordingly,  Lake  Plymouth  Dam  is  classified  as 
"Significant"  hazard. 

Ownership 

Lake  Plymouth  Dam  is  privately  owned  by  Mr.  Fred  Rosenberg. 

All  correspondence  should  be  addressed  R.D.  # 5,  Box  256A, 

Newton,  New  Jersey  07860. 

Purpose  of  Dam 

The  purpose  of  the  dam  is  the  impoundment  of  a  lake  used  for 
recreation. 
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f.  Design  and  Construction  History 

Lake  Plymouth  Dam  reportedly  was  constructed  by  Brunswick 
Homes  around  1951.  Reportedly,  no  alterations  or  repairs  have 
been  made  since  the  dam  was  constructed. 

g.  Normal  Operational  Procedures 

The  dam  and  its  appurtenances  are  operated  and  maintained  by 
Lake  Plymouth  Maintenance  Association.  Repairs  are  made  on  an 
"as  needed"  basis. 

1.3  Pertinent  Data 


a.  Drainage  Area 

b.  Discharge  at  Damsite 

Maximum  flood  at  damsite 
Outlet  Works  at  pool  elevation 
Spillway  capacity  at  top  of  dam 

c.  Elevation  (N.G.V.D.) 

Top  of  Dam 

Maximum  pool -design  surcharge 
Spillway  -  Primary  crest 
-  Secondary  Crest 
Depressions  adjacent  to  each  end 
of  the  dam 

Stream  bed  at  toe  of  dam 
Maximum  tail  water 


1.20  square  miles 


Unknown 

N.A. 

646  cfs 


1000.7 

1000.8 

998.0 

998.8 

1000.2 

985.3 

988.8  (Estimated) 


d.  Reservoir 


Length  oT  maximum  pool 
Length  of  recreation  pool 

e.  Storage  (Acre-feet) 

Recreation  pool 

Maximum  pool  -  design  surcharge 
Top  of  dam 

f.  Reservoir  Surface  (acres) 

Top  of  dam 

Maximum  pool  -  design  surcharge 
Recreation  pool 

g.  Dam 

Type 

Length 

Height 

Sideslopes  -  Upstream 
-  Downstream 

Zoning 

Impervious  core 
Cutoff 

Grout  curtain 

h.  Diversion  and  Regulating  Tunnel 

i.  Spillway 
Type 

Length  of  weir  -  Primary 

-  Secondary 


1800  feet  (Estimated) 
1600  feet  (Scaled) 


62 

221 

216 


87.7  (Estimated) 
88.0  (Estimated) 

14.7 


Earthfill 
495  feet 
13.6  feet 

1  horiz.  to  1  vert. 

3  horiz.  to  1  vert. 

Unknown 

Unknown 

Unkown 

Unknown 

N.A. 


Uncontrolled  Weir 
14  feet 
25  feet 
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Primary  crest  elevation 
Secondary  crest  elevation 
Gates 

Approach  channel 
Discharge  channel 


j.  Depressions  Adjacent  to  Each  End 

of  Dam  (Emergency  Spillways) 

Type 

Length  of  weir  (left) 

Length  of  weir  (right) 

Crest  elevation 
Gates 

Approach  channel 
Discharge  channel 

k.  Regulating  Outlet 
None  observed. 


998.0 

998.8 

N.A. 


N.A. 

Spillway  discharges 
directly  into  down¬ 
stream  channel 


Irregular  Grasssed 
Channel 
40  feet 
10  feet 
1000.2 
N.A. 

N.A. 

Depressions  discharge 
overland 
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SECTION  2:  ENGINEERING  DATA 


2. 1  Design 

No  plans  or  calculations  pertaining  to  the  original  design  of  the 
dam  could  be  obtained. 

2.2  Construction 


No  data  or  reports  pertaining  to  the  construction  of  the  dam  are 
available. 

2. 3  Operation 


No  data  or  reports  pertaining  to  the  operations  of  the  dam  are 
available. 

2.4  Evaluation 


a.  Availability 

There  is  no  available  engineering  data  pertaining  to  the 
original  construction  of  the  dam. 

b.  Adequacy 

Available  engineering  data  pertaining  to  Lake  Plymouth  Dam  is 
not  adequate  to  be  of  significant  assistance  in  the  performance 
of  a  Phase  I  evaluation.  A  list  of  absent  information  is 
included  in  paragraph  7. 1 . b . 

c.  Validity 

The  validity  of  engineering  data  cannot  be  assessed  due  to  the 
absence  of  data. 
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SECTION  3:  VISUAL  INSPECTION 


3. 1  Findings 


a.  General 

The  inspection  of  Lake  Plymouth  Dam  was  performed  on  December  30, 
1980.  by  staff  members  of  Storch  Engineers.  A  copy  of  the 
visual  inspection  check  list  is  contained  in  Appendix  1.  The 
following  procedures  were  employed  for  the  inspection: 

1)  The  embankment  of  the  dam,  appurtenant  structures  and 
adjacent  areas  were  examined. 

2)  The  embankment  and  accessible  appurtenant  structures  were 
measured  and  key  elevations  determined  by  surveyor's 
level . 

3)  The  embankment,  appurtenant  structures  and  adjacent  areas 
were  photographed. 

4)  The  downstream  flood  plain  was  toured  to  evaluate  downstream 
development  and  restricting  structures. 

b.  Dam 

The  grading  of  the  dam  appeared  to  be  generally  uniform.  The 
crest  was  free  of  almost  all  vegetation  although  a  few  trees 
were  observed.  It  consisted  of  bare  soil  with  many  roots 
exposed.  The  roots  may  have  been  exposed  due  to  wind  erosion. 

The  soil  was  black  in  color,  and  appeared  to  be  topsoil.  The 
upstream  face  of  the  dam  was  exposed  only  to  the  waterline  and 
was  covered  with  grass  and  trees.  Trees  ranged  in  size  from  2 
inches  to  12  inches.  The  upstream  face  was  also  eroded, 
apparently  by  wave  action.  There  were  also  two  strands  of 
wire  running  along  the  upstream  side  of  the  crest  of  dam 
attached  to  trees  and  posts  forming  an  electrified  fence. 
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The  downstream  face  of  the  dam  was  covered  with  trees  and 
bushes  and  contained  no  grass.  The  trees  ranged  in  size  from 
1  inch  to  18  inches. 

At  the  toe  of  the  dam  approximately  halfway  between  the  spillway 
and  the  left  end  and  also  to  the  right  of  the  spillway  there 
was  an  area  of  soft  spongy  soil  which  could  be  an  indication 
of  seepage.  In  addition,  two  points  of  possible  seepage  were 
observed  at  the  toe  of  dam,  one  about  100  feet  from  the  left 
end  and  the  other  about  100  feet  from  the  right  end.  The 
former  was  flowing  with  a  trickle  and  contained  orange  colored 
deposits  while  the  latter  consisted  of  standing  water.  Small 
channels  about  1  foot  to  2  feet  wide  extended  from  both  of  the 
seepage  points. 

Appurtenant  Structures 

The  concrete  in  the  spillway  section  appeared  to  be  haphazardly 
placed  and  did  not  form  satisfactory  stabilization.  The 
sideslopes  of  the  trapezoidal  section  were  stabilized  on  the 
left  by  grouted  riprap  and  contained  no  significant  stabiliza¬ 
tion  on  the  right.  The  downstream  slope  of  the  spillway  was 
formed  by  riprap.  There  were  small  trees  growing  in  the 
spillway  and  on  its  downstream  side.  The  trees  ranged  in  size 
from  1  inch  to  3  inches.  The  overall  stabilization  of  the 
soil  in  the  spillway  appeared  to  be  inadequate. 

Reservoir  Area 

The  entire  perimeter  of  the  reservoir  except  for  its  upstream 
end  appeared  to  be  surrounded  by  home  sites.  The  home  sites 
were  wooded  and  the  shore  slopes  were  flat  to  moderate  with 
slopes  of  about  5  percent.  The  shore  at  the  upstream  end  of 
the  dam  was  wooded  and  also  appeared  to  have  moderate  slopes. 


Downstream  Channel 


The  downstream  channel  consisted  of  a  small,  natural,  meandering 
stream  with  a  bed  formed  of  cobbles  and  gravel.  It  had  banks 
ranging  from  one  to  four  feet  high.  It  was  wooded  to  its 
waterline  and  essentially  free  of  obstructions.  Approximately 
200  feet  downstream  from  the  dam,  two  barns  were  located  adjacent 
to  the  stream.  The  area  downstream  from  the  dam  as  well  as 
the  dam  itself  was  being  used  for  grazing  horses.  A  road 
bridge  and  dwelling  were  located  about  850  feet  downstream 
from  the  dam. 
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SECTION  4:  OPERATIONAL  PROCEDURES 


4.1  Procedures 


The  level  of  water  in  Lake  Plymouth  is  regulated  by  discharge  over 
the  spillway  and  depressions  at  each  end  of  the  dam.  The  dam  does 
not  include  a  low  level  outlet,  thus  precluding  a  drawdown  without 
the  use  of  pumping  or  siphoning.  Reportedly,  the  lake  is  not 
normally  lowered  for  any  purpose. 

Reportedly,  the  stream  flowing  into  the  upstream  end  of  the  lake 
normally  ceases  to  flow  during  the  summer  and  the  lake  level  drops 
about  one  foot. 

4.2  Maintenance  of  the  Dam 


Reportedly,  maintenance  of  the  dam  is  performed  on  an  "as  needed" 
basis. 

4.3  Maintenance  of  Operating  Facilities 

Reportedly,  regular  maintenance  of  operating  facilities  consists  of 
cleaning  the  spillway  by  the  Lake  Plymouth  Maintenance  Association. 

4. 4  Description  of  Warning  System 

Reportedly,  no  warning  system  is  currently  in  use  for  the  dam. 

4. 5  Evaluation  of  Operational  Adequacy 

The  operation  of  the  dam  has  been  successful  to  the  extent  that  the 
dam  reportedly  has  not  been  overtopped. 


11 


Maintenance  documentation  is  poor  and  maintenance  has  not  been 
adequate  in  the  following  areas: 

1)  Eroded  areas  of  the  upstream  face  of  embankment  not  repaired. 

2)  Trees  and  other  adverse  vegetation  not  removed. 

3)  Spillway  not  properly  stabilized. 
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SECTION  5:  HYDRAULIC/HYDROLOGIC 


5.1  Evaluation  of  Features 


a.  Design  Data 

The  quantity  of  storm  water  runoff  that  the  spillway  should  be 
able  to  handle  is  based  on  the  size  and  hazard  classification 
of  the  dam.  This  runoff  quantity,  called  the  spillway  design 
flood  (SDF),  is  described  in  terms  of  return  frequency  or 
probable  maximum  flood  (PMF)  depending  on  the  extent  of  the 
dam's  size  and  potential  hazard.  According  to  the  "Recommended 
Guidelines  for  Safety  Inspection  of  Dams"  published  by  the 
U.S.  Army  Corps  of  Engineers,  the  SDF  for  Lake  Plymouth  Dam 
falls  in  a  range  of  100-year  frequency  to  1/2  PMF.  In  this 
case,  the  low  end  of  the  range,  100-year  frequency,  is  chosen 
since  the  factors  used  to  select  size  and  hazard  classification 
are  on  the  low  side  of  their  respective  ranges. 

The  SDF  peak  computed  for  Lake  Plymouth  Dam  is  1851  c.f.s. 

This  value  is  derived  from  the  100-year  flood  hydrograph 
computed  by  the  use  of  the  HEC-l-DAM  Flood  Hydrograph  Computer 
Program  using  the  Soil  Conservation  Service  triangular  unit 
hydrograph  with  curvilinear  transformation.  Hydrologic  computa¬ 
tions  and  computer  output  are  contained  in  Appendix  4. 

The  spillway  discharge  rates  were  computed  by  the  use  of  weir 
formulae  appropriate  for  the  configurations  of  the  spillway 
and  depressions  adjacent  to  each  end  of  the  dam.  The  combined 
spill  way  and  emergency  spillway  discharge  with  lake  level 

equal  to  the  top  of  the  dam  was  computed  to  be  646  c.f.s.  The 

SDF  was  routed  through  the  dam  by  use  of  the  HEC-l-DAM  computer 
program  using  the  modified  Puls  Method.  In  routing  the  SDF, 

it  was  found  that  the  dam  crest  would  be  overtopped  by  a  depth 

of  0.1  foot  in  a  non-breach  situation.  Accordingly,  the 
subject  spillway  is  assessed  as  being  inadequate  in  accordance 
with  criteria  developed  by  the  U.S.  Army  Corps  of  Engineers. 
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Experience  Data 


Reportedly,  the  dam  has  never  been  overtopped.  No  damage  to 
downstream  structures  has  been  reported. 

Visual  Observation 

No  evidence  of  overtopping  of  the  embankment  was  noted  at  the 
time  of  inspection. 

Overtopping  Potential 

As  indicated  in  paragraph  5. La.  a  storm  of  magnitude  equal  to 
the  SDF  would  cause  overtopping  of  the  dam  to  a  height  of  0.1 
foot  over  the  crest  of  the  dam.  The  spillway  is  capable  of 
passing  approximately  35  percent  of  the  SDF  with  lake  level 
equal  to  the  top  of  dam. 

Drawdown  Data 

Drawdown  computations  cannot  be  performed  due  to  the  apparent 
lack  of  outlet  works. 


SECTION  6:  STRUCTURAL  STABILITY 


6. 1  Evaluation  of  Structural  Stability 


a.  Visual  Observations 

The  dam  appeared,  at  the  time  of  inspection,  to  be  outwardly 
stable.  However,  evidence  of  seepage  was  observed  at  four 
locations  on  the  downstream  side  of  the  dam.  The  severity  of 
the  seepage  cannot  be  precisely  determined  within  the  scope  of 
this  Phase  I  evaluation.  However,  the  seepage  does  not  appear 
to  be  an  indication  of  immediate  structural  instability. 

b.  Generalized  Soils  Description 

The  soils  description  of  Lake  Plymouth  Dam,  with  respect  to 
glaciation  and  to  bedrock  formation,  is  complex.  On  the 
northwest  a  quartzite  conglomerate  bedrock,  shown  on  the 
Geologic  Map  of  New  Jersey  as  Shawangunk  conglomerate  with  a 
glacial  ground  Moraine  deposited  during  the  Wisconsin  Glacial 
stage.  On  the  southeast,  the  underlying  formation  is  slate 
and  shale  bedrock  of  Ordovician  age.  Some  mounds  created  by 
the  accumulation  of  sand  and  gravel  brought  by  the  melt  water 
flowing  from  the  Wisconsin  Glacier  surrounds  the  lake.  The 
quartzite  conglomerate  bedrock  presumably  extends  below  the 
dam  foundations. 

c.  Design  and  Construction  Data 

Analysis  of  structural  stability  and  construction  data  for  the 
embankment  are  not  available. 

d.  Operating  Records 

No  operating  records  are  available  for  the  dam.  The  water 
level  of  Lake  Plymouth  is  not  monitored. 


e.  Post-Construction  Changes 


No  significant  changes  to  the  dam  or  area  around  the  dam  since 
its  construction  are  known. 

f.  Seismic  Stability 

Lake  Plymouth  Dam  is  located  in  Seismic  Zone  1  as  defined  in 
"Recommended  Guidelines  for  Safety  Inspection  of  Dam"  which  is 
a  zone  of  very  low  seismic  activity.  Experience  indicates 
that  dams  in  seismic  Zone  1  will  have  adequate  sbability  under 
seismic  loading  conditions  if  they  have  adequate  stability 
under  static  loading  conditions.  Lake  Plymouth  Dam  appeared 
to  be  outwardly  stable  under  static  loading  conditions  at  the 
time  of  inspection. 
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SEATON  7:  ASSESSMENT  AND  RECOMMENDATIONS 


sment 


ty 

i  on  hydraulic  and  hydrologic  analyses  outlined  in  Section  5 
Appendix  4,  the  spillway  of  Lake  Plymouth  Dam  is  assessed 
aing  inadequate.  The  spillway  is  not  able  to  pass  the  SDF 
out  an  overtopping  of  the  dam. 

embankment  appeared,  at  the  time  of  inspection,  to  be 
ardly  stable.  However,  the  evidence  of  seepage  was  observed 
he  toe  of  dam.  The  seepage  did  not  appear  to  be  an  indication 
mediate  embankment  instability. 

jacy  of  Information 

nriation  sources  for  this  report  include  1)  field  inspection, 
SGS  quadrangle,  3)  consultation  with  the  owner  of  Lake 
outh  Dam.  The  information  obtained  is  sufficient  to  allow 
ase  I  assessment  as  outlined  in  "Recommended  Guidelines 
Safety  Inspection  of  Dams." 

of  the  absent  data  are  as  follows: 

Construction  and  as-built  drawings. 

Description  of  fill  material  for  embankment. 

Design  computations  and  reports. 

Maintenance  documentation. 

Soils  report  for  the  site. 

Post  construction  engineering  reports. 


c.  Necessity  for  Additional  Data/Evaluation 


Although  some  data  pertaining  to  Lake  Plymouth  Dam  are  not 
available,  additional  data  are  not  considered  imperative  for 
this  Phase  I  evaluation. 

7.2  Recommendations 


a.  Remedial  Measures 

Based  on  hydraulic  and  hydrologic  analyses  outlined  in  paragraph 
5.1. a,  the  spillway  is  considered  to  be  inadequate.  It  is 
therefore  recommended  that  a  professional  engineer  experienced 
in  the  design  and  construction  of  dams  be  engaged  in  the  near 
future  to  perform  more  accurate  hydraulic  and  hydrologic 
analyses  relating  to  the  spillway  capacity.  Based  on  the 
findings  of  these  analyses,  the  need  for  and  type  of  remedial 
measures  should  be  determined  and  then  implemented. 

The  owner  should,  in  the  near  future,  develop  an  emergency 
action  plan  together  with  an  effective  warning  system  outlining 
actions  to  be  taken  by  the  operator  to  minimize  downstream 
effects  of  an  emergency  at  the  dam. 

It  is  further  recommended  that  the  following  remedial  measures 
be  undertaken  by  the  owner  in  the  near  future. 

1)  The  upstream  face  and  crest  of  the  dam  should  be  properly 
protected  against  erosion. 

2)  The  spillway  should  be  thoroughly  renovated  to  provide 
adequate  slope  protection  for  the  embankment. 

3)  All  trees  and  adverse  vegetation  on  the  embankment  should 
be  removed. 
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b.  Maintenance 


In  the  future,  the  owner  of  the  dam  should  develop  written 
operating  procedures  and  a  periodic  maintenance  plan  to  ensure 
the  safety  of  the  dam. 

c.  Additional  Studies 

Seepage  at  the  dam  should  be  periodically  monitored  by  an 
engineer  experienced  in  the  design  and  construction  of  dams  in 
order  to  assess  any  changes  in  its  condition  and  its  effects 
on  the  structural  stability  of  the  dam. 

The  ability  to  drain  the  lake  should  be  investigated  in  the 
future  by  a  professional  engineer  experienced  in  the  design 
and  construction  of  dams.  If  the  need  for  a  low  level  outlet 
is  determined,  a  suitable  outlet  should  be  designed  and  installed. 
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PHOTO  2 


UPSTREAM  VIEW  OF  SPILLWAY 


LAKE  PLYMOUTH  DAM 
30  DECEMBER  1980 
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PHOTO  3 

CREST  OF  SPILLWAY 


PHOTO  4 

GROUTED  RIPRAP  AT  LEFT  END  OF  SPILLWAY  CREST 


LAKE  PLYMOUTH  DAM 
30  DECEMBER  1980 


PHOTO  5 

UPSTREAM  FACE  OF  DAM 


PHOTO  6 

DOWNSTREAM  FACE  OF  DAM 


PHOTO  7 

RIPRAP  ON  DOWNSTREAM  SIDE  OF  SPILLWAY 


PHOTO  8 

SEEPAGE  AT  TOE  OF  DAM 


LAKE  PLYMOUTH  DAM 
30  DECEMBER  1980 


CHECK  LIST 


HYDROLOGIC  AND  HYDRAULIC  DATA 
ENGINEERING  DATA 

DRAINAGE  AREA  CHARACTERISTICS:  Steep,  wooded _ ’ 

ELEVATION  TOP  NORMAL  POOL  (STORAGE  CAPACITY):  998.0  (62  acre-feet) 
ELEVATION  TOP  FLOOD  CONTROL  POOL  (STORAGE  CAPACITY):  N.A. 

ELEVATION  MAXIMUM  DESIGN  POOL:  1000.8 _ 

ELEVATION  TOP  DAM: _ 1000.7 _ 


PRINCIPAL 

SPILLWAY 

CREST: 

a. 

Elevation 

998.0  (Primarv),  998.8  (Secondary) 

b. 

Type 

Broad  Crested  Weir  witn  inclined  downstream  side 

c. 

Width 

12  feet 

d. 

Length 

14  feet  (Primary),  25  feet  (Secondary) 

e- 

Location  Spillover  Downstream  side  of  dam 

f. 

Number  and  Type  of  Gates  None 

AUXILIARY 

SPILLWAY 

CREST:  Depressions  adjacent  to  ends  of  dam 

a. 

El  evation 

1000.2 

'  b. 

Type 

•Irregular  grassed  channel 

c. 

Width 

N.A. 

d. 

Length 

40  feet  (left),  10  feet  (right) 

e. 

Location  Spillover  Adjacent  to  ends  of  dam 

f.  Number  and  Type  of  Gates  N.A. 


OUTLET  WORKS:  None 


a. 

Type  n.A. 

b. 

Location  N.A. 

• 

c. 

Entrance  Invert 

N.A. 

d. 

Exit  Invert 

N.A. 

• 

e. 

Emergency  Draindown  Facilities:_ 

N.A. 

HYDOMETEOROLOGICAL  GAGES: 

None 

a. 

Type 

N.A. 

b. 

Location 

N.A. 

c. 

Records 

N.A. 

MAXIMUM  NON-DAMAGING  DISCHARGE: 


6.46  c.f.s. 


(Lake  Stage  Equal  to  Top  of  Dam) 
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Hydraul ic/Hydrologic  Computations 


v 


STORCH  ENGINEERS 
Project _ 


LAKE  PLYMOUTH  oam 


Sheet — !_  _  of  Uz— 

.Made  By  slLS.  Date  UJ2l£i 

_Chkd  By  Pete  3  J'#/8/ 


HYDROLOGY 

Hy  PROLOG  (C  M/\LY£(S: 

lr)R/ou  by c/r oyy  ra y> h  Rot  LAKE  PLYMOUTH  CT\M 
h/t'/f  be,  cfeve/optcT  by  HEC~  /  ~DAYJ  coty^yu  ie.r 
y^roy/'Orvt,  ucYny  ECS  TKoinyyu  m-tt'Y  hydro 

yyroLph  <z*d  cxtrvH/near  MansYony^Mon. 


DRA/MdPS  AREA 


/  >2  R L>qrr>/J 


/NF/LT&A  riON  : 

X)rQ/  no  o  e  Gre&  /T  uoocTecf 

V 

/n>  Mg  /  i*y  fi/Tra  Hex  i 

ConzDwf  ih-ft'fira  Mon 


use  r 


1.5  T/aD 
O.  /S  .  '<// VrJ 


STORCH  ENGINEERS 

Project  _  .  _ 


LAKE  'Plymouth  vah 


Sheet,  fr  of  ^ 
Made  By  2l UAL  Date  3/17 f£j_ 
Chkd  By  Date  3//S/S/ 


77/Vi?  OF  CONGER  rfA  TfO/d; 

[by  SCS  ~ 

-  r*  -  ss7 

L&ntjff) 

Overage. 

Pveran  e. 

(J 

of  ovetfO:<d  F/ok> 
s/ope, 
rebc-i  Yp 

=  2 poo 

/£.£ 

-  /.OB 

£rtj 

r/.j 

[Ftp  s J 

Leng  if 

at  VfnCf  rj  A 
OlYfracp*. 

of  slot  tn  Cfr&ftf 
s/opt, 
ve^/oei  Yg 

-  Ijfoo 

-  7.27 

- 

[At] 

O’A] 

£ Mp  c7 

7o  -  [- 

2  Ho  a  U  lo  o  J 

/.Of  *  HdS  J  26°* 

-  £>„£/  + 

^,2? 

7^  =-  O ■  ?  /M-/ 


TIME  of  concentka  r/OAK 


t2*-  I  L-ti/ts. 


f~6y  -Handbook  of  applied  hpdro/oay 

—  CYoU  pj  K  -  3&J 


s 


a  Iboo-xO.A  7~c  ~  ~T‘me  °f  con  rev -be?/)  on  [min] 


/ 0.Q/G& 


t  -  0.67?  [fir] 

fa  u.  cK  f Yo  oO~ 


2  '  s/epe  •  t  Ml 
£  *  O.f  [oiTjhneCt  Coeff/c'f  uF 
/  ■»  L-eu^b/n  of  o  v *  r  /cr  1*  a/  [ FfJ 


Tc 


O.C>e  +  0.2  9  -  0.17  [dr] 


T/ME  OF  COH/CBdrf AT/ON: 


TppdyMs 


ftp  7)er\  <7  /->  of  Inn  a  A  pa  M4  l  .  *>  70 


7c  -  Ti.rrn.  o/1  COnce  -/rdi's.’- <  [r[  . 
Z  *  Z? /:afd  cf  tjaYcrcz. 

[  •"  B/fv0+>O.  )  p;  fere*  C  C 


^  Z  *  Lzr.afd  cf  *ja  Yen  course.  £  M/j 

Tc.=  r//^0^)r-us  "  ~r 

^  ZZo  J 


7c.  =  Z?.  36-  r.-^7 


Sheet — ?  of 

Made  By  __Date  UZJ £l— 

Chkd  By  ^6  Date  3//8/SJ 

Computer  input • 

roz.  HE<Z  -/-  L3AM  INPUT 

USE  lag  Time 

To  =  (0,*?  Hr  AAG  Jo 


STORCH  ENGINEERS 
Project _ 


iauf  TZYMoorK  dm 


LAG  T/H  e 


_  0.5 A-  he 


STORCH  ENGINEERS 

//S/Tc  -PLYMOUTH  DAM 

Sheet  •£"  of  ^ 

By  Vi  //-p  Date  3  ! ^  V1 

rro|ecT. - - - - - 

Chkd  By  77  Date  2//S/S/ 

LAJVE  STORAGE  VOLUME  : 

Uakr  surfac-e.  e.!c\/.  [Ft] 

AreCt  f Ac  J 

9fS'3 

0 

*9? ?'0 

/A ’7 

/ ,  000-0 

<F7.  7 

i ,  020  ‘O 

no .  7 

!,  oA-O-O 

/A9-7 

fjEG  -  /  -  hayy)  V/ //  develop  cVoray  e 

capctC'ry  -from  cur  face  /  #re*  f  e/e,ado^/ 

in  -fomituHon  ~fcik.e~tn  -froi-T*  TV.G.  (E.  S  <Q<un<drn/~>p  Ve ^ 

T/dL  brook.  w'/'e. 


/ 


N .  -7. 


STORCH  ENGINEERS 
Project  : _ 


LAI/E  PLY  tiOUT H  D*H 


Sheet  ^ _ of 

.Made  By. ^  ’ 7  Date .  ?! 

.Chkd  By  Date  y//H/S/ 


HYDRAULICS 


Discharge 


The,  citLcha rr,e  c\i  He  LAKE  PLYMOUTH  DAM  Is  0 ''tr¬ 
et  pr/ncipn /  spill  way  AaHtiq  pnniary  a/\U  Cec  OhrHary  sY&pe  S 
COMSts  Ah  9  of  broac/  crfjHcY  we/rs .  On  /Ac.  HAY  en»a/ 

V 

on  He.  rjyy A /  s!c/e  o  /  the  <^re  Hra  pra.zzea/  ■ 

McpresctDn  c  AhaA  serve.  &s  trpencij  sp,'//  vaty  i 


Fmerjrve^f  <.pi/'n£>y  tty t I 


c/er.  1000.2. 


top  *>■£  eWnr. i  ititft  e/rtr 
■from  1000.7  to  /OOf.  3  \ 

££C±>rWr’ry  emt  rtr.  99/.S 
prirroiy  crest  »/e,  9‘IS.O [ 


Frnerapr.ey  spi'H*>Py  /?//• 
e'er.  7000.  Z 


!  / 

fi^J  , 

r^riy 


'/.  9' 
^0/' 


ho.  O 


1, 

I  /  1 


25. ov  Lo 
-Jr - /■ — /- 


Z2  o.oV 

pater  Surface. 

'  eki~  ‘797. 0 


•So.  ov 


225.0' 

top  of  Ctpni  e'fr  '000-7  ■ 

_ ZeearCfor-y  Crr ^2  e/cr. 

prt  rvor  7  c  r  rt  t  ~  A  r  ,  “!<*  p.<s> 


r. _ 


12  o' 


STORCH  ENGINEERS 
Project  ■ _ 


Sheet  7  _  of  tZ 


(Me  PLYMOUTH  £>£H 


.Made  By  -  HI 2  Date 


B/iy  let 


.Chkd  By_^ _ Date  1 /'#/#/ 


s  pill  v  Ay  section! 


[iTavcf b&ok.  of  hyc/tQvUci  ' 


C  L 


Q  *  ^cfcj 

CL.  =*  co^  ffn'ci'e**  t~  ojC  oh 


/  ”  e.ffe.c  +>'se.  Yeh^th  op  cy>i//n>ay  heYt^y  cwrh>cpec/ ff/J 

H  —  head  Yota/  on  /Yrj  ay  /ft] 


7Co>r~  hy  cfrCUA.  U'CZ  C?U0  /y  S/S  f 

The  zpitfM?  at  fnc  IciUc  VLy MOUTH  D4H  is 


C 


asCCffHcc/  to  be.  a*  broad  orestfet  tjMo  m'/h 


cNeif.  e  Ye ‘.nation  0  f pnmc?r^  )  O.u^oC 

0 


&f<r  t-crfa'os)  Wf.f  fse  co»o'&ry )  iy/rt)  yor^/w^ 
■e/AecHcoC.  /&  uy?  /-/is  dote.  Yo  The.  irre.ju  fao  nature. 
crest  arid  tfe  'Yrz.pe  ^otc/dY  shspe.. 


of  the 


STORCH  ENGINEERS 
Project _ 


L  A  VL  Ytiou  Hi  Da  M 


Sheet. 


8 


of 


/2 


.Made  By  £j lfc*  Date  3  >  !7  /  ft 
_Chkd  By  D«ta  3/J8/8/ 


STORCH  ENGINEERS 

Sheet 

9 

O 

\ 

Prnjert  VL^MOUTH  VAH 

Made  By_ 

G<  r>a 

Date 

5  :>7lef 

Chfcd  Bv 

JOT 

D.l.  3//S/3, 

S  P/  L  L  VVA  Y 

STAGE  0/S.CHAE&E  Cl/£Yb 


\00l.0 


Top  of  c/on-L 


e/^r,  1000.7 


tJct'hr 
e  W-  [Fj] 

W.c 
Vf't 
>000.1 
1000.7 
too/  .1 


Ql^J 


VtJ  3C.Q- 
tooo.i  jfj.  ? 

>000.7  (*r.(> 

roo/.l  liCkf.  5 
>002.0  >7^5.2 


C  hat-3  e 


****r 


*  »v*  - 


STORCH  ENGINEERS 
Project  -  ' _ 


Sheet  of  /'£ 

LAKB  PLYMOUTH  DAM  Made  Ry  LULl  ru*.  3  /  >7  !<?/ 

__ _ Chkd  By  ?//£/£/ 

B>RBAChf  ANALYSIS: 


fop  c?/  do**-  c-  ir.  V*-£»v)  )  &O0 .  7 


3e?i$b*w  o/  brzacA  e/tc/fi*  ejn'c/tfo 

2c>  As>~7  «./’  breacA  « /ei^r,  th'oLn 

£ic?e-  -T/tyC-e.  t>  bf)c.ct.cA. 

f-sakf-  ce-  trfe  traS'on 

vz-Ur-  i^/a-en  e/e?.  k-fi.'cJL  (vif7 

/ 

COuic  Vo  Vrtv  'V 

7r» 7t.  yo/-  breach.  To  C?ei,e /o f?  tr&X.  £->?■& 


=  V5^' 

# 

—  7<f7.c> 
«  /:  / 

- 

-  /<?C?0. 7 

7.0  ^ 


STORCH  ENGINEERS 
Project _  _ 


iahe  Ply  hoot H  da  -v 


EXDhJ  A/  S  TRe/\H  CtfANHEL 


Lake.  P/j  tnouM) 


Sheet..  LL  of  _ 
_Made  By  3> (j£j  Pete  3  ~  f_ 
_Chlcd  By  s/g  D»+,  j//<S/i 


ins  °tf  S-l 


g.t/\  z+oo  r 


■n*.  /  \ 

/  ^ 

/  * 

/ 

/ 

/  DLJELL  !N& 

'  /  FF  Orr.  %  'r.  o 

I  B  2cf. 


\  'BfiQFi  _ 


Rou  77  nr?  EfocA  / 


C-  O.o2<fs 


1  <t^2. 

T7^35r\\ 


STA  ^fgj 
/>?/.  *?SS.2 

PAUfJ _ j 

e^s,  ‘iei.o- 


TyptCAL  CZOSS  SECT/ ON 

RpgcA  J 

S7>4  2  + 00 

y;  9/3.0  Nfo°  ^ 


$  C 

*iv  *<= 


N  K 


I! 

r  i 

| 

i 

f 


HEC  -  1  -  DAM  PRINTOUT 


Overtopping  Analysis 


01 

01 


019 

019 


0.019 

0.019 


0.019 

0.019 


0.019 

0.019 


0.019 

0.019 


0.019 

0.019 


0.019 

0.019 


01  0.019 
01  0.019 
01  0.019 


0.019 

0.019 

0.019 


01  0.028 
01  0.0S3 
01  0.750 


0.019  0.019  0.019  0.019  0.019 

0.019  0.019  0.019  0.019  0.019 

0.019  0.019  0.019  0.019  0.019 

0.038  0.038  0.02S  0.038  0.038  0.03e 

0.083  0.083  0.082  0.1d3  0.163  0.163 

0.750  0.163  0.162  0.163  0.162  0.083 


0.019  0.019  0.019 

0.019  0.019  0.019 

“0.0 r?  0.019  0 . 6 1 9~ 

0.019  0.019  0.019 

0.019  0.028  0.038 

0.031  0.028  OTO HT 

0.163  0.750  0.750 

0.033  0.083  0.083 


01  0.083 
01  0.028 
T 


0.083 

0.028 


O.OS3 

0.038 


0.083 

0.028 


0.028 

0.028 


0.028 

0.038 


0.023 


1  .! 


0.038 


0.1! 


0.023  0.038 


U2 

X 

K 


0.54 
-0.05 
I' AM 


! .  0 


K 1 
Y 

Y 1 


ROUTE  DISCHARGE  THROUGH  DAM 

1 


1 


-998.0 


-1 


Y 4  998.0  998. e  1000.2  1000.7  1001.3  1002.0  1003.0 
Y5  0  36.4  393.9  645.6  1108.5  1745.2  2814.6 
*A  0  14.7  87.7  110.7  149.7 


«E  985.3 
It  998.0 
tlilOOO  ,  7 
'  l<” 

K  1 
Y 


998.0  1000.0  1020.0  1040.0 


2.7 


4  45 


1  1 

CHANNEL  ROUTING  REACH  1 


VI  1 

Y 6  0.050 

Y7 _ 0_ 

Y  7 
K 


0.025 

984.6 


0 . 050 
80 


979.6 

982.6 


984 . 6 
160 


200 
980 .6 


0.0285 

161 


979.6 


169 


979.6 


173 

1 


982.6 


213 


983.6 


984.6 


K 1 


CHANNEL  ROUTING  REACH  2 


Y 

Y  1 


19,00  HOURS 


HEC  - 


-  DAM  PRINTOUT 


Breach  Analysis 


1A1  NATIONAL  t'AH  SAFETY  PROGRAM 

A2 _ LAKE  PLYMOUTH  HA M 

A3  100  YEAR  STORM  ROUTING 


P 

in 

200 

5 

0 

15 

0 

0 

A 

j 

i 

1 

1 

ji 

i 

K 

0 

LAKE 

0 

0 

1 

ki 

I NFLuU  HYDRCbRAFK 

“TO  LM'E 

Plymouth 

"THER 

11 

0 

'  n 

1 . 2 

1 . 2 

0 

1 

11 

90 

n  i 

0.01  9 

37uT5 

"  0.019 

0.019 

o.or? 

0725  T 9 

0.01  9 

0.019 

0.01? 

— 0T0T9 

01 

0.019 

0.019 

0.019 

0.019 

0.019 

0.019 

0.019 

0.019 

0.019 

0.019 

01 

0.019 

0.019 

0.019 

0.019 

0.019 

0.019 

0.019 

0.019 

0.019 

0.019 

Di 

0  «  0  1  v 

0.019 

0.019 

0  .  C 1 9 

mi  v 

0 . 0  i  V 

0 . 0  j  V 

■KH4m 

c: 

0.019 

0.019 

0.019 

0.019 

0.019 

0.019 

0.019 

0.019 

0 . 023 

0.039 

in 

0.038 

0.023 

0.02  2 

0.028 

0.023 

0 . 038 

0.02  8 

0.028 

0 . 02S 

0.026 

iTT 

0 . 0  £  3 

uttsts 

0  %  *  J  <4  ^ 

0.032 

OTTSr 

'07512 

0.1s  i 

0TT33 

077*;  0 

077 SO - 

in 

0. 750 

0.750 

0.162 

0.162 

0.162 

0.162 

0.01.3 

0.083 

0.083 

0.083 

01 

0.083 

0 . 022 

0.033 

0.032 

0.02  3 

0.038 

0 .038 

0.033 

0.033 

0.038 

Cl 

v.Gi2 

0  «  v  i  d 

0 . 0  4  E 

0  .  V  b  3 

v  .  v  1  c! 

"07028 

r 

1 . 5 

0.15 

U2 

0 . 5  A 

V. 

*1.0 

-07715 

2 . 0 

|\  i  frill 

K 1  ROUTE  MSCHARGE  THROUGH  GAM 


Y 

f  1 
'fA 


99  S. 


i  A 
JE_ 
i 1 
iii; 

"ft*  * 
K 1 
Y 


o  2  6  .  A 

o  i  a  .  7 

.3  998.0 


I  000. 2 
2T27T~ 
87 . 7 
1000.0 


1000.7 
~ IT3TT' 
110.7 
1020.0 


1001.2 
1 10  S’.  IT" 
109.7 
10A0.0 


1002 . 0 


-998.0 

1002.0 

~2BTaTZ~ 


-l 


998. 
O00. 
150  . 


! .  7 


1  .5 
99  7.0 


A  A  5 

1.0 


999. 0  1000.7 


1  1 

CHANNEL  ROUTING  REACH  1 


Y  1 

Y  6 
Y7_ 

Y  7~ 
!\ 

t.l 


0.05 

T? 


1 

0  0.035 

0  93  A.  6 

3  7  62.6 


0.050 

SO 


9  7  9.0 

8e2.i 


98  A  .  0 


200 


TIT 


932.0 


1 00  SE0.6 

252  99A.0 


0.0295 

101 


979.0 


CHANNEL  ROUTING  REACH  2 


169 


979 . 6 


APPENDIX  5 


Bib! iography 


1.  "Recommended  Guidelines  for  Safety  Inspection  of  Dams,"  Department 

of  the  Army,  Office  of  the  Chief  of  Engineers,  Washington,  D.C.  20314. 

2.  Design  of  Small  Dams,  Second  Edition,  United  States  Department  of 
the  Interior,  Bureau  of  Reclamation,  United  State  Government 
Printing  Office,  Washington,  D.C.,  1973. 

3.  Holman,  William  W.  and  Jumikis,  Alfreds  R.,  Engineering  Soil 
Survey  of  New  Jersey,  Report  No.  11,  Sussex  County,  Rutgers 
University,  New  Brunswick,  N.J.,  1953. 

4.  "Geologic  Map  of  New  Jersey,"  prepared  by  J.  Volney  Lewis  and 
Henry  8.  Kummel ,  dated  1910-1912,  revised  by  H.B.  Kummel ,  1931  and 
M.  Johnson,  1950. 

5.  Chow,  Ven  Te.,  Ed.,  Handbook  of  Applied  Hydrology,  McGraw-Hill 
Book  Company,  1964. 

6.  Herr,  Lester  A.,  Hydraulic  Charts  for  the  Selection  of  Highway  Culverts, 
U.S.  Department  of  Transportation,  Federal  Highway  Administration,  1965. 

7.  Safety  of  Small  Dams,  Proceedings  of  the  Engineering  Foundation 
Conference,  American  Society  of  Civil  Engineers,  1974. 

8.  King,  Horace  Williams  and  Brater,  Ernest  F.,  Handbook  of  Hydraulics, 
Fifth  Edition,  McGraw-Hill  Book  Company,  1963. 

9.  Urban  Hydrology  for  Small  Watersheds,  Technical  Release  No.  55, 
Engineering  Division,  Soil  Conservation  Service,  U.S.  Department 
of  Agriculture,  January  1975. 


